LOCATE BEAMS 
DIRECTLY WvDER 
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BULKHEAD FRAMING 

REF a - 444'-8 


TOTES: 

1. TOP OF CONCRETE IS AT REFERENCE ELEVATION V.OM THUS BcS 

2. TOP OF STRUCTURAL STEEL IS (-6") 8ELOW REFERENCE 
ELEVATKW U.OJJ THUS (XXX). ' 

3. NEW FLOOR CONSTRUCTION B 4* LBHTWOCHT CONCRETE 
(PC ■ +000 PSJ) OVER 2" COMPOSITE STEEL DECK. TYPE Dl. 
U.O.N. 

4. STEEL DECK IS 18 GAGE MiJ&fUW FOR 2 OR 3 WAN CONDfTKW. 
STEEL OECX IS 16 GAGE USOtUM FOR 1 SPAV CWOTTfiN, FOR 
SPANS GREATER THAN 7-9 AM) SMALLER IHti 8'-10. STEEL 
OECX SPANS WStTH/SOOTH UNLESS NOTED — - 

5. STRUCTURAL STEEL BEAMS SHALL BE FY36 U.O.N AS FV50 

6. NUMBER OF y<*x< LONG STUO SKtAR CONNECTORS 
APPLIED TO THE TOP FIANCE OF KAM IS NOTED THUS [XXj. 

7. ua - mum beau, wi2xi6 nx, sruos » Imw] u.oa 

8. D3ffliSX»S MTH * (SEED BE VEffiFIEO AND AOJUSTEO AS NEEDED 
CWCE ACTUAL EQWPUENI IS SELECTED. ADJACENT DQ1ENSXWS 
HEED BE ADJUSTED ACCOROWGLV, 

9. WOE FLANGE I STRUCTURAL STEEL COLUUHS ARE W14x109 FY50 
^IB^lf 051 SXMMXS TS 6x6X1/4 FY46 UON; 
FOR POSTS AROUND PERIMETER SEE S2-03. 
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BULKHEAD ROOF FRAMING 

REF a - 458'- 10 
NOTES: 

1. TOP OF STRUCTURAL STEEL [S AT REFERENCE 
ELEVATION UAH. THUS OCO0. 

2. RW CONSTRUCTOR IS 1.1/2* DEEP ROOF OECX, 18 CAGE 
fraCTKXs\jOJL W SPW^W THE NORTH/SuTH 

3. STRUCTURAL STEEL SHAPES SHALL BE FY38 VJJM AS FY50 

4. US » IM BEAM, W12xl5 FY36, STUDS - [WW] U.0X 

5. OflOSXWS WTH • NEED BE VERIFIED AMD ADJUSTED AS NEEDED 

£$? tP&.&gV&LB^^ ADJACENT DNENSiOtfS 
NEED BE ADJUSTED ACCOROWCLY. 

6. WOE FLANGE I STRUCTURAL STEEL COLUUHS ARE *14xlW FY36 
U^SWWE POST OXUUNS ARE TS 8x8X1/4 FT46 UO* 
FOR POSTS AROUSD PERflCTES SEE S2-03. 

7. STRUCTURAL STEa ABOVE PENTHOUSE FLOOR SHALL BE PANTED 
^ A^-BCH SHCF PR&ER. STRUCTURAL STEEL NOTED *!» 
SHALL BE GALVANIZED. 
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